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syphon. When there are lumps or floating particles in the supply, a
strainer should be attached to the suction pipe. The syphon works
best under certain conditions at a certain steam pressure, which has
to be found out by throttling the steam. Therefore when such a
syphon is installed it should be arranged as shown in the cut.

Valve V is throttled to the most favorable steam pressure and

FIG. 91.   LEAD SYPHON ARRANGEMENT.
locked in that position. Valve R is used for operating the syphon
only. Before starting the syphon, valve D should be opened in
order to draw off condensation. Care has to be taken that no traps
occur in the delivery pipe and that the suction pipe is perfectly
air-tight.